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INCREASE  IN  PERMIT  FEES-EFFECTIVE  A UGUST  1st,  1956. 


The  permit  fees  presently  in  effect  were  established  in 
1950,  when  the  permit  system  was  introduced,  but  the  cost  of 
providing  adequate  inspection  services  has  increased  con- 
siderably since  that  time. 

The  differential  between  the  cost  of  inspection  and  the  re- 
venue obtained  from  permit  fees  has  always  been  most  notice- 
able in  the  smaller  installations  with  permit  fees  ranging  from 
$0.  50  to  $8.  00  and  this  has  become  even  more  pronounced  in 
recent  years.  The  spread  between  cost  and  revenue  has  now 
increased  to  such  an  extent  that  a small  increase  in  the  per- 
mit fees  has  become  imperative  but  for  the  present,  this  in- 
crease will  be  limited  to  those  installations  having  estimated 
costs  up  to  $800. 00. 

This  will  therefore  advise  that,  effective  August  1st, 

1956,  permit  fees  must  be  calculated  on  the  following  basis: 

Calculation  of  Total  Cost  of  Installation. 


Fees  shall  be  based  on  the  total  cost  to  the  customer  of 
all  material  and  labour  involved  in  the  electrical  installation. 
In  calculating  the  total  cost  it  is  not  necessary  to  include  the 
initial  cost  of  any  generators  or  current  consuming  equip- 
ment such  as  motors,  heaters,  lighting  fixtures,  etc., 
approved  by  the  Canadian  Standards  Association  or  by  the  In- 
spection Department;  the  initial  cost  of  transformers  of 
25  KVA  capacity  or  over  or  factory  assembled  units  of  switch 
gear  approved  by  the  Canadian  Standards  Association  where 
the  cost  of  the  individual  unit  exceeds  $3,  000.  00:  Switches 
or  controls  which  are  an  intregal  part  of  current  consuming 
equipment  and  included  in  the  original  approval  given  by  the 
Canadian  Standards  Association  or  the  Inspection  Department. 
In  calculating  the  total  costs  the  installation  cost  of  such 
equipment  shall  be  included. 

Schedule  of  Fees 

For  each  addition  costing  $50.  00  or  less  not  requiring  a 


service  connection  $1.00 

For  each  installation  costing  up  to  $100.00  requiring  a 
service  connection  or  any  addition  costing  from  $50.00 
to  $100.  00  2.00 

For  each  installation  costing  over  $100.  00  but  not  more 
than  $200.  00  3. 00 

For  each  installation  costing  over  $200.  00  but  not  more 
than  $300.00  4.00 

For  each  installation  costing  over  $300.  00  but  not  more 
than  $400.00  5.00 

For  each  installation  costing  over  $400,00  but  not  more 
than  $500.00  6.00 
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For  each  installation  costing  over  $500.  00  but  not  more 
than  $600.  00  7.00 

For  each  installation  costing  over  $600.00  but  not  more 
than  $700.  00  7.50 

For  each  installation  costing  over  $700.  00  but  not  more 
than  $800.  00  8.  00 


A further  increase  of  $1.  00  for  each  $100.  00  or  fraction 
thereof  of  cost  up  to  $1,  000.00. 

From  $1,  000.  00  to  $5,  000.  00,  the  rate  shall  be  75  cents 
for  each  $100.00  additional  cost  or  fraction  thereof. 

From  $5,  000.00  to  $500,  000.  00,  the  rate  shall  be  50  cents 
for  each  $100.00  additional  cost  or  fraction  thereof. 

From  $500,  000.  00  to  $3,  000,  000.  00,  the  rate  shall  be 
25  cents  for  each  $100.00  additional  cost  or  fraction 
thereof. 

Over  $3,  000,  000.  00,  the  rate  shall  be  10  cents  for  each 
$100.00  additional  cost  or  fraction  thereof. 

Trailers  and  Portable  Buildings 


Permits  will  be  issued  covering  electrical  installations 
in  such  structures  at  the  rates  set  out  below.  No  expiry 
date  will  be  set  on  the  permit  and  such  structures  may  be 
reconnected  without  a new  permit  being  obtained.  The  or- 
iginal permit  must  be  retained  at  all  times  in  the  structure. 

Fees  for  permits  for  trailers  or  portable  buildings  re- 
quiring service  connection  direct  from  the  power  company 


service  lines $2.  00 

Fees  for  permits  for  trailers  or  poftable  buildings  con- 
nected to  existing  outlets 1.00 

Fees  for  labelling  factory  assembled  trailers  which  re- 
quire no  change  in  the  original  installation 1.00 

INTERCONNECTION  OF  GROUNDS  AT 
TELEPHONE  EXCHANGES 


As  a result  of  the  numerous  breakdowns  in  telephone 
equipment  in  exchanges,  some  experimental  installations 
were  made  in  which  the  grounds  of  the  two  systems  were 
interconnected.  This  has  resulted  in  a great  reduction  in 
the  number  of  breakdowns  and  we  are  therefore  prepared  to 
permit  the  interconnection  of  the  grounds  at  these  locations. 

Therefore  when  electrical  wiring  is  being  installed  in 
these  buildings,  the  electrician  should  extend  a short  con- 
nection from  the  neutral  bar  in  the  main  service  switch  or 
panel  to  a junction-box  mounted  approximately  two  feet 
from  the  service  equipment.  This  extension  should  be 
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made  with  the  same  size  of  grounding  conductor  as  used  for 
the  main  service  ground  on  the  power  system. 

The  above  arrangement  will  permit  telephone  personnel 
to  make  the  interconnection  of  grounds  in  the  junction-box 
if  they  feel  it  to  be  necessary  but  it  is  emphasized  once 
again  that  this  practice  is  only  permitted  in  telephone  ex- 
changes provided  with  telephone  equipment  which  is  con- 
nected to  the  electrical  system. 

RANGES  CONSISTING  OF  SEPARATE  UNITS 

Ranges  of  the  above  type,  in  which  the  surface  elements 
may  be  in  one  section,  the  oven  in  another,  and  other  units 
provided  in  additional  sections,  are  now  becoming  prevalent. 

It  is  pointed  out  that  each  element  in  the  various  sections 
of  the  range  must  be  provided  with  branch  circuit  protection 
either  as  an  integral  part  of  the  unit  or  by  means  of  a sep- 
arate branch-circuit  panel  installed  adjacent  to  the  in- 
dividual sections. 

It  must  be  emphasized  that  if  there  is  any  reduction  in 
conductor  size  between  the  service  panel  and  the  branch- 
circuit  protective  devices,  additional  protective  means  must 
be  installed  at  the  point  where  the  conductors  are  reduced 
in  size. 

Grounding  to  the  neutral  conductor  will  not  be  accepted 
in  any  instance  where  a joint  or  tap  is  required  between 
the  device  and  the  grounding  terminal  in  the  service  panel. 

PAYMENT  OF  INVOICES  FROM 
PERMIT  DEPOSIT  ACCOUNTS 


There  appears  to  be  a general  understanding  that  money 
on  deposit  for  payment  of  permit  fees  may  be  automatically 
used  for  payment  of  invoices. 

This  is  not  the  case  and  once  money  has  been  deposited 
in  a permit  account,  it  is  not  possible  to  use  it  for  any 
purpose  other  than  payment  of  permit  fees.  If  it  is  desired 
to  pay  an  invoice  out  of  such  deposits,  therefore,  it  is 
necessary  to  obtain  a refund  of  the  necessary  amount  from 
the  Treasury  Department  and  then  repeat  the  accounting 
procedures  so  that  the  money  may  be  credited  to  payment 
of  the  invoice. 

The  time  and  delays  involved  in  the  above  procedure 
could  be  avoided  by  deducting  the  amount  of  any  outstanding 
invoice  from  money  submitted  in  payment  of  permit  fees 
before  such  money  is  placed  on  deposit.  We  would  therefore 
urge  contractors  having  such  invoices  to  pay  to  include  the 
amount  of  the  invoice  in  the  submission  of  permit  fees 
following  receipt  of  the  invoice.  When  this  is  done  a note 
should  also  be  forwarded  requesting  that  the  amount  of  the 
invoice  be  deducted  from  the  money  submitted. 


